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SUBJECT: CCC RENOVATION 

REF: STATE 82232 

1 . MR. BRYFOGLE COULD NOT BE DESIGNATED PROJECT OFFICER 
FOR THIS RENOVATION AS HE HAS BEEN ON R&R AND IS NOT 
EXPECTED TO RETURN TO POST UNTIL APPROXIMATELY APRIL 15 
POST WILL PROCEED WITH CCC RENOVATION WORK AS BEST IT 
CAN UNDER PREVAILING CONDITIONS. PLEASE ADVISE ON THE 
FOLLOWING: 

A. VENTILLATOR FAN AND MOTOR OVER ROOM NUMBER 
EIGHT HAVE APPARENTLY BEEN MISSING FOR YEARS. CAN 
DEPARTMENT IDENTIFY AND PROCURE TYPE AND MODEL 
ORIGINALLY INSTALLED OR AN INTERCHANGEABLE SUBSTITUTE? 
ADVISE. 
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B. INSTEAD OF FABRICATING AND INSTALLING ANEW 

AIR VENT IN THE NEW SOUTH PENTHOUSE WALL, POST SUGGESTS 
RETAINING COMPLETE STEEL WALL ASSEMBLY CONSISTING OF 
DOUBLE DOORS AND OVERHEAD LOUVERED VENT COMPLETE WITH 
TWENTY-FOUR INCH MOTORIZED FAN, AND TO SIMPLY MOVE IT 
OUTBOARD TO NEW WALL LOCATION. IF DEEMED NECESSARY, 
SECURITY GRILLE CAN BE ADDED. ADVISE. 
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C. IF QUARTER INCH PLATE OVER BEAM SUPPORTS, 

SHOWN ON DRAWING C5451.07-S-05(X) IS TO BE ON BOTH THE 
HILLER AND GENERATOR BASES, WE ASSUME THAT FOR GENERA- 
TOR BASE IT IS ONLY TO EXTEND OVER PORTION INSIDE 
PENTHOUSE. ADVISE. 

D. DRAWING C541.07-S-03(X) SHOWS THE AREA 
BETWEEN W-6 AND W-7 TO BE REINFORCED. DETAIL (A) 

IMPLIES THAT THE REINFORCEMENT IS TO BE DONE WITH 
EIGHT INCHES OF CONCRETE. AS WE READ THE DRAWING, 
RAISING THE INTERIOR FLOOR BY EIGHT INCHES WOULD NOT 
SUPPORT THE GENERATOR AS THE BEARING SUPPORTS ARE 
TWELVE INCHES HIGH. ALSO, ADDITION WOULD NOT EXTEND 
OVER BOTH LOAD BEARING WALLS AND WOULD THUS ADD MORE 
THAN FOUR TONS TO THE ROOF LOADING. POST UNAWARE OF 
NEED FOR ANYTHING IN THIS AREA EXCEPT FOR REMOVING 
BUILT-UP ROOF AND INSULATION. ADVISE. 

E. POST WOULD ALSO APPRECIATE DEPARTMENT'S 
RE-EVALUATION OF NEED FOR CLOSING ALL WINDOWS IN 
ROOMS TEN AND ELEVEN SINCE WINDOWS ARE HEAVILY BARRED 
AND ON FOURTH FLOOR OF BUILDING. ONE WINDOW WITH 
HINGE, LOCKABLE GRILLE IS PRESENTLY THE ONLY MEANS 

OF ESCAPE FROM VAULT/SAFEHAVEN AREA. IF ALL WINDOWS 
ARE SEALED THERE WILL BE NO MEANS OF EMERGENCY EXIT. 
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AS MINIMUM, WINDOWS IN ROOM ELEVEN SHOULD BE ADAPTED 
FOR ESCAPE PURPOSES. ADVISE. 

F. IF DEPARTMENT CONCURS, POST SUGGESTS FUNDING 
INCREASE OF DOLS 1000 FOR PROCUREMENT AND DELIVERY TO 
KARACHI OF TWO NEW 17000 BTU AIR CONDITIONERS FOR 

AC INSTALLATION NUMBER TWO AND NUMBER THREE 
ROOM TEN. ADVISE. 

MOORE 
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